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Name  of  Dan: 

State  Located: 
County  Located: 

St  ream : 

Date  of  Inspection: 


Cedar  Hill  Lake  No.  1  Dam,  Missouri  Inv.  No.  30073 

Missouri 

Jefferson 

Unnamed  Tributary  of  Big  River 
October  2,  1978 


Assessment  of  General  Condition 


Cedar  Hill  Lake  No.  1  Dam  No.  Mo. 30073  was  inspected 
using  the  "Recommended  Guidelines  for  Safety  Inspection  of  Dams". 
These  guidelines  were  developed  by  the  Chief  of  fiigineers, 
U.S.  Army,  Washington,  D.C.,  with  the  help  of  Federal  and  state 
agencies,  professional  engineering  organizations,  and  private 
engineers.  The  resulting  guidelines  are  considered  to  represent  a 
consensus  of  the  engineering  profession. 

Based  on  the  criteria  in  the  guidelines,  the  dam  is  in 
the  high  hazard  potential  classification,  which  means  that  loss  of 
life  and  appreciable  property  loss  could  occur  in  the  event  of 
failure  of  the  dam.  Six  houses,  two  improved  road  crossings,  and 
one  State  Highway  crossing  would  be  subjected  to  flooding,  with 
possible  damage  and/or  destruction,  and  possible  loss  of  life. 
Cedar  Hill  Lake  No.  1  Dam  is  in  the  small  size  classification  since 
it  is  less  than  40  feet  high  and  impounds  less  than  1,000  acre-feet 


Our  inspection  and  evaluation  indicates  that  the  spill¬ 
way  of  Cedar  Hill  Lake  No.  1  Dam  does  not  meet  the  criteria  set 
forth  in  the  guidelines  for  a  dam  having  the  above  size  and  hazard 
potential.  Cedar  Hill  Lake  No.  1  Dam  is  a  small  size  dam  with  a 
high  hazard  potential  required  by  the  guidelines  to  pass  from 
one-half  Probable  Maximum  Flood  to  the  Probable  Maximum  Flood 
without  overtopping.  Since  there  is  significant  development 
downstream  of  the  dam,  the  Probable  Maximum  Flood  is  the  appropri¬ 
ate  Spillway  Design  Flood  (SDF).  It  was  determined  that  the 
spillway  will  pass  28  percent  of  the  Probable  Maximum  Flood  without 
overtopping  of  the  dam.  Our  evaluation  indicates  that  the  spillway 
will  pass  the  100-year  flood;  that  is,  a  flood  having  a  1  percent 
chance  of  being  equalled  or  exceeded  during  any  given  year. 

The  Probable  Maximum  Flood  is  defined  as  the  flood 
discharge  that  may  be  expected  from  the  most  severe  combination  of 
critical  meteorological  and  hydrologic  conditions  that  are  reason¬ 
ably  possible  in  the  region. 

Other  deficiencies  noted  by  the  inspection  team  were  a 
need  for  a  periodic  inspection  by  a  engineer  experienced  in  the 
design  and  construction  of  dams;  lack  of  a  maintenance  schedule; 
trees  and  large  brush  on  the  downstream  embankment  slope;  and 
vegetative  growth  in  the  spillway  channel.  Tbe  lack  of  stability 
and  seepage  analyses  on  record  is  also  a  deficiency  that  should  be 
corrected.  These  analyses  should  concentrate  on  the  area  exhibit¬ 
ing  seepage  on  the  downstream  embankment  slope. 

It  is  recommended  that  the  owner  take  action  to  correct 


or  control  the  deficiencies  described  above 
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CEDAR  HILL  LAKE  NO.  1  DAM,  Missouri  Inv.  No.  30073 


SECTION  1:  PROJECT  INFORMATION 


General 


a.  Authority 

The  Dam  Inspection  Act,  Public  Law  92-367  of 
August,  1972,  authorizes  the  Secretary  of  the  Army,  through 
the  Corps  of  Engineers,  to  initiate  a  national  program  of  dam 
inspections.  Inspection  for  the  Cedar  Hill  Lake  No.  1  Dam  was 
carried  out  under  Contract  DACW  43-78-C-0160  to  the  Department 
of  the  Army,  St.  Louis  District,  Corps  of  Engineers,  by  the 
engineering  firms  of  Consoer,  Townsend  &  Associates  Ltd.,  and 
Engineering  Consultants,  Inc.  (A  Joint  Venture),  of  St.  Louis, 
Missouri. 


b.  Purpose  of  Inspection 

The  visual  inspection  of  the  Cedar  Hill  Lake  No.  1 
Dam  was  made  on  October  2,  1978.  The  purpose  of  the  inspection 
was  to  make  a  general  assessment  as  to  the  structural  inte¬ 
grity  and  operational  adequacy  of  the  dam  embankment  and  its 
appurtenant  structures. 


Scope  of  Report 


c . 


This  report  summarizes  available  pertinent  data 
relating  to  the  project;  presents  a  summary  of  visual  observa¬ 
tions  made  during  the  field  inspection;  presents  an  evaluation 
of  hydrologic  and  hydraulic  conditions  at  the  site;  presents 
an  evaluation  as  to  the  structural  adequacy  of  the  various 
project  features;  and  assesses  the  general  condition  of  the 
dam  with  respect  to  safety. 

It  should  be  noted  that  reference  in  this  report  to 
left  or  right  abutments  is  as  viewed  looking  downstream. 
Where  left  abutment  or  left  side  of  the  dam  is  used  in  this 
report,  this  also  refers  to  west  abutment  or  side,  and  right 
to  the  east  abutment  or  side. 

d.  Evaluation  Criteria 

Criteria  used  to  evaluate  the  dam  were  furnished  by 
the  Department  of  the  Army,  Office  of  the  Chief  of  Ehgineers, 
in  "Recommended  Guidelines  for  Safety  Inspection  of  Dams", 
Appendix  D.  These  guidelines  were  developed  with  the  help  of 
several  Federal  agencies  and  many  state  agencies,  professional 
engineering  organizations,  and  private  engineers. 
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.  2  Description  of  the  Pro  ject 

a.  Description  of  Dam  and  Appurtenances 

It  should  be  noted  that  design  drawings  are  not 
available  for  the  dam  or  appurtenant  structures.  The  follow¬ 
ing  description  is  based  exclusively  on  observations  and 
measurements  made  during  the  visual  inspection. 

The  dam  embankment  is  likely  a  homogeneous  earth- 
fill  structure.  The  crest  of  the  embankment  has  a  width  of 
14  feet  and  a  length  of  approximately  620  feet.  The  crest 
elevation  is  set  at  530.5  feet  above  MSL,  and  the  maximum 
height  of  the  embankment  is  38.5  feet  above  the  minimum 
streambed  elevation  along  the  centerlne  of  the  dam. 

The  embankment  section  is  constructed  with  IV  to  2H 
upstream  and  downstream  slopes.  A  20-foot  wide  berm  is 
located  2  5  to  30  vertical  feet  below  the  dam  crest  on  the 
downstream  slope.  The  berm  has  a  typical  height  of  8  feet, 
and  a  side  slope  of  IV  to  1.5H.  Surface  observation  of  the 
embankment  material  found  the  material  to  be  sandy  clay  with 
traces  of  silt.  The  material  would  be  classified  as  CL  by  the 
Unified  Soil  Classification  System. 

Bedrock  at  the  site  and  within  the  vicinity  is 
composed  of  Ordovician  age  silty  and  chert  dolomite.  A 
residual  clay,  a  weathered  product  of  the  bedrock,  commonly 
mantles  the  rolling  hills.  Alluvial  deposits  are  encountered 
along  the  stream  courses  of  the  area. 
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The  right  abutment  of  the  dam  and  the  spillway  are 
founded  in  hard  dolomite,  while  the  left  abutment  appears  to 
be  founded  in  residual  clay  or  bedrock.  Bedrock  bedding 
planes  exposed  in  the  spillway  have  attitudes  of  N65°W,  2°SVI. 
Design  or  construction  drawings  of  the  project  are  not  avail¬ 
able,  but  it  is  likely  the  embankment,  through  the  channel 
section,  has  been  placed  on  residual  clays  and/or  alluvial 
deposits . 


Data  is  not  available  to  provide  a  description  of 
the  foundation  preparation  for  the  dam. 

The  spillway  for  the  Cedar  Hill  Lake  No.  1  Dam  is 
an  open  channel  depression  in  the  east  abutment  just  beyond 
the  end  of  the  dam  embankment.  The  spillway  was  cut  in  rock, 
and  the  discharge  channel  contains  a  series  of  rock  falls 
before  entering  the  natural  channel.  Cross-section  of  the 
spillway  crest  is  trapezoidal  in  shape,  with  bottom  width  of 
30  feet,  side  slopes  IV  to  5H  on  the  left  and  IV  to  0.25H  on 
the  right.  A  2-foot  high  wire  fence  was  constructed  as  a 
trashrack  across  the  crest  section. 

There  is  no  operating  outlet  pipe  or  low  level 
drain  at  the  dam. 

The  reservoir  at  Cedar  Hill  Lake  No.  1  Dam  impounds 
about  200  acre-feet  of  water  from  a  drainage  area  of 
0.49  square  miles. 
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b.  Location 

Cedar  Hill  Lake  No.  1  Dam  is  located  on  an  unnamed 
tributary  of  the  Big  River,  Jefferson  County,  Missouri.  The 
nearest  downstream  community  is  Cedar  Hill,  Missouri,  approxi¬ 
mately  1-1/2  miles  from  the  dam.  The  main  access  from 
Cedar  Hill,  Missouri,  is  south  on  Highway  30  for  one  mile  to 
Route  B,  then  east  on  Route  B  for  approximately  800  feet,  and 
then  south  on  Ficken  Road.  This  road  will  lead  directly  to 
the  Cedar  Hill  Lakes,  which  are  on  Grandview  and  Hill¬ 
top  Roads.  The  dam  and  reservoir  are  shown  on  the  Cedar  Hill 
Quadrangle  Sheet  (7.5  minute  series)  in  Section  35,  Town¬ 
ship  42  North,  Range  3  East. 

c.  Size  Classification 

According  to  the  "Recommended  Guidelines  for  Safety 
Inspection  of  Dams",  by  the  U.S.  Department  of  the  Army, 
Office  of  the  Chief  Engineer,  the  dam  is  classified  in  the  dam 
size  category  as  being  "Small"  since  its  storage  is  less  than 
1,000  acre-feet.  The  dam  is  also  classified  as  "Small"  in  dam 
height  category  because  its  height  is  less  than  40  feet.  The 
overall  size  classification  is,  accordingly,  "Snail"  in  size. 

d.  Hazard  Classification 

The  dam  has  been  classified  as  having  "High"  hazard 
potential  in  the  National  Inventory  of  Dams,  on  the  basis  that 
in  the  event  of  failure  of  the  dam  or  its  appurtenances, 
excessive  damage  could  occur  to  downstream  property,  together 
with  the  possibility  of  the  loss  of  life.  Our  findings  concur 
with  the  classification.  The  estimated  damage  zone  extends 
three  miles  downstream  of  the  dam.  Within  the  damage  zone  are 
six  houses,  two  improved  road  crossings,  and  State  Highway  30 
crossing. 
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■  fr 


Ownership 


e  • 


Cedar  Hill  Lake  No.  1  Dam  is  owned  by  Property 
Owners  Corporation,  a  group  of  home  owners  who  live  around  the 
perimeter  of  the  Cedar  Hill  Lakes.  The  mailing  address  is 
Property  Owners  Corporation,  e/o  Duke  Beekerman,  P.0.  Box  34A, 
Route  2,  Cedar  Hill,  Missouri  63016. 

f.  Purpose  of  Dam 

The  purpose  of  the  dam  is  to  impound  water  for 
recreational  use  as  a  private  lake. 

g.  Design  and  Construction  History 

Cedar  Hill  Lake  No.  1  Dam  was  originally  designed 
and  constructed  in  1949  by  Walter  Ficken,  a  private  developer. 
No  design  plans  or  specifications  were  used  at  the  time  of 
construction. 

h.  Normal  Operational  Procedures 

The  dam  is  used  to  impound  water  for  recreational 
purposes.  There  are  no  facilities  present  at  the  damsite 
which  require  any  operation  or  maintenance.  Water  levels  are 
controlled  by  rainfall,  runoff,  evaporation,  and  an  uncon¬ 
trolled  spillway.  Water  level  and  maintenance  records  are  not 
kept  for  Cedar  Hill  Lake  No.  1  Dam. 
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1 . 3  Pertinent  Data 

a.  Drainage  Area  (acres): 

b.  Discharge  at  Damsite 

Estimated  experienced  maximum  flood  (cfs) : 

EstimaOed  ungated  spillway  capacity 
at  maximum  pool  elevation  (cfs): 

c.  Elevation  (Feet  above  MSL) 

Top  of  dam: 

Spillway  crest : 

Minimum  streambed  elevation  at  centerline  of  dam: 
Maximum  tailwater: 

d.  Reservoir 

Length  of  maximum  pool  (feet): 


530.5 

527.0 

492.0 

Unknown 


2,360 


e.  Storage  (Acre-Feet) 


Top  of  dam: 


f.  Reservoir  Surface  (Acres) 


Top  of  dam: 
Spillway  crest : 


Type: 

Length : 

Height  (maximum) 
Top  width: 

Side  slopes: 

Downst  ream 


Upstream 


Rolled  Earthfill 
620  feet 
38.5  feet 
14  feet 


IV  to  2H  for  top  25  to  30  vertical  feet 
to  a  20  foot  wide  berm,  and  IV  to  1.5H 
to  ground  surface 

IV  to  2H 
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Zoning : 

Unknown 

Impervious  core : 

Unkwown 

Cutoff  : 

Unknown 

Grout  curtain: 

Unknown 

h.  Diversion  and  Regulating  Tunnel 
i  .  Sp i 1 lwa  y 

Type: 

Length  of  weir: 

Crest  Elevation: 


None 


Uncontrolled 
30  feet 

527  feet  (MSL) 


j 


Regulating  Outlets 


None 


SECTION  2:  ENGINEERING  DATA 


2.1  Design 


Design  drawings  are  not  available  for  the  dam  or  appur¬ 
tenant  structures.  Ihe  dam  was  designed  and  constructed  in  1949  by 
Walter  Ficken,  a  private  developer.  No  drawings  were  made  for  the 
dan  or  appurtenant  structures. 


2, 2  Const  ruction 

No  construction  data  is  available  for  the  dam  and 
appurtenant  structures. 


2. 3  Operation 

No  operation  data  is  available  for  Cedar  Hill  Lake  No.  1 

Dam. 
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2.4 


Evaluation 


a.  Availability 

No  design  drawings,  design  computations,  construc¬ 
tion  data  or  operation  data  is  available. 

In  addition,  no  pertinent  data  was  available  for 
review  of  hydrology,  spillway  capacity,  flood  routing  through 
the  reservoir,  outlet  capacity,  slope  stability,  seepage 
analysis,  or  foundation  conditions. 

b.  Adequacy 

The  available  engineering  data  is  inadequate  to  aid 
in  evaluating  the  hydraulic  and  hydrologic  capabilities  and 
stability  of  the  dam  for  Phase  I  investigations. 

The  lack  of  engineering  data  did  not  allow  for  a 
definitive  review  and  evaluation.  Therefore,  the  adequacy  of 
this  dam  could  not  be  assessed  from  the  standpoint  of  review¬ 
ing  and  evaluating  design,  operation  and  construction  data, 
but  is  based  primarily  on  visual  inspection,  past  performance 
history,  and  sound  engineering  judgment. 

Seepage  and  stability  analyses  comparable  to  the 
requirements  of  the  "Recommended  Guidelines  for  Safety  Inspec¬ 
tion  of  Dams "  were  not  available,  which  is  considered  a 
deficiency.  These  seepage  and  stability  analyses  should  be 
performed  for  appropriate  loading  conditions  (Including 
earthquake  loads)  and  made  a  matter  of  record. 
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Validity 


No  valid  engineering  data  is  available 


SECTION  3:  VISUAL  INSPECTION 


Findings 

a.  General 


A  visual  Inspection  of  Cedar  Hill  Lake  No.  1  Dam 
was  made  on  October  2,  1978.  The  following  persons  were 
present  during  the  inspection: 


_ Name 

Yin  Au-Yeung 


_ Affiliation _ 

Engineering  Consultants,  Inc. 


David  Bramwell  Engineering  Consultants,  Inc. 
Jon  Diebel  Engineering  Consultants,  Inc. 
John  Ismert  Engineering  Consultants,  Inc. 


Disciplines 

Project  Engineer, 
Hydraulics  and 
Hydrology 

Geology 

Soils 

Mechanical 


Kevin  Blume 


Consoer,  Townsend  &  Assoc.,  Ltd.  Civil  &  Structural 


Specific  observations  are  discussed  below. 


b .  Dam 


The  crest  of  the  dam  is  well  protected  by  a  gravel 
road  base.  Traffic  on  the  crest  is  restricted  to  access  to 
several  private  homes  on  the  east  side  of  the  dam. 


The  upstream  embankment  slope  does  not  have  riprap 
for  protection.  As  a  result,  some  sloughing  is  occurring  near 
the  high  water  elevation.  This  has  caused  some  steepening  of 
the  embankment  slope,  with  the  slope  appearing  to  be  as  steep 
as  IV  to  IH  in  some  areas.  Vegetation  on  the  slope  is  not 
satisfactory  for  protection  of  the  slope  from  erosion. 


The  downstream  embankment  slope  is  overgrown  with 
trees  and  large  brush.  This  heavy  vegetation  made  proper 
inspection  of  the  slope  virtually  impossible.  Rodent  activity 
was  observed  on  the  embankment  slope . 

A  seepage  area  was  observed  on  the  downstream 
embankment  slope  approximately  200  feet  west  of  the  right 
abutment  of  the  dam.  The  seep  was  found  2  to  5  vertical  feet 
above  a  berm  located  30  vertical  feet  down  from  the  dam  crest. 
The  seep  extends  for  a  length  of  75  feet,  with  a  width  of 
10  feet,  and  is  characterized  by  moist,  boggy  terrain,  with 
phreatophytes .  The  fill  in  the  area  contained  a  larger  number 
rocks  than  would  normally  be  expected. 

c.  Appurtenant  Structures 
(1)  Spillway 

The  spillway  is  a  cut  section  in  rock  on  the 
east  side  of  the  dam.  The  spillway  approach  channel, 
crest  structure  and  discharge  channel  are  well  defined. 
A  2-foot  high  wire  fence  is  constructed  across  the 
spillway  crest  as  a  trashrack.  The  uncontrolled  spillway 
is  the  only  structure  existing  at  this  dam  to  control 
pool  levels.  No  water  was  observed  to  be  flowing  over 
the  spillway  crest  at  the  time  of  inspection.  There  is 
heavy  aquatic  growth  existing  at  the  entrance  to  the 
spillway  crest.  One  large  tree  is  located  on  the  left 
side  of  the  approach  channel  and  several  smaller  trees 
were  noticed  immediately  downstream  of  the  crest. 
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(2)  Outlet  Works 


No  outlet  works  or  reservoir  drain  are  pro¬ 
vided  for  the  damsite. 

d.  Reservoir  Area 

The  water  level  was  at  elevation  525.05  feet 
above  MSL  at  the  time  of  the  inspection. 

There  are  thirteen  private  homes  located  near  the 
reservoir  shore.  All  of  these  homes  have  well  kept  lake-front 
properties.  Behind  these  homes  are  woodlands  and  trees.  No 
erosion,  wave  wash  or  slope  slides  were  noticeable  along  the 
shore  of  the  reservoir. 

e.  Downstream  Channel 

Spillway  discharge  through  the  crest  structure  will 
flow  over  a  series  of  rock  falls  to  reach  the  original  chan¬ 
nel.  The  rock  falls  function  as  excellent  energy  dissipators, 
and  are  in  good  condition. 


3.2  Evaluation 


The  following  items  were  observed  which  could  affect  the 
safety  of  the  dam,  or  which  will  require  maintenance  within  a 
reasonable  period  of  time. 

1.  The  seepage  area  observed  on  the  downstream  embankment 
slope. 
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2.  The  large  brush  and  tree  growth  prevalent  on  the  down¬ 
stream  embankment  slope. 

3.  The  sloughing  and  erosion  of  embankment  materials  on  the 
upstream  slope  of  the  dam. 

4.  The  rodent  activity  on  the  downstream  embankment  slope. 

5.  The  vegetative  growth  in  the  spillway  channel. 
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SECTION  4:  OPERATIONAL  PROCEDURES 


4.1  Procedures 


Cedar  Hill  Lake  No .  1  Is  used  solely  for  recreational 
purposes.  There  are  no  facilities  or  equipment  at  the  damsite 
which  require  operation.  The  lake  is  kept  as  full  as  possible  at 
all  times,  and  there  is  no  facility  at  the  damsite  for  draining  the 
lake  if  the  need  arises.  Water  level  is  maintained  by  rainfall, 
runoff,  evaporation,  and  capacity  of  the  uncontrolled  spillway. 


4.2  Maintenance  of  Dam 


The  dam  is  maintained  by  the  manager  of  Property  Owners 
Corporation,  with  corrective  measures  being  performed  as  they  are 
needed.  Items  that  were  noticed  which  require  maintenance  include 
clearing  the  downstream  slope  of  all  trees,  and  clearing  of  small 
trees  and  brush  from  the  the  spillway  channel.  No  maintenance  or 
water  level  records  are  kept. 


4.3  Maintenance  of  Operating  Facilities 

As  stated  in  Paragraph  4.1,  there  are  no  facilities  or 
equipment  at  Cedar  Hill  Lake  No.  1.  The  water  level  is  controlled 
only  by  rainfall,  runoff,  evaporation,  and  capacity  of  the  uncon¬ 
trolled  spillway. 
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The  inspection  team  is  not  aware  of  any  existing  warning 
system  in  effect. 

4. 5  Evaluation 

With  the  exception  of  those  items  mentioned  in  Para¬ 
graph  4.2,  the  operation  and  maintenance  appears  to  be  adequate. 
The  items  listed  as  needing  correction  should  be  repaired  within  a 
reasonable  period  of  time. 


SECTION  5:  HYDRAULIC/ HYDROLOGIC 


5.1  Evaluation  of  Features 


a.  Design 

No  design  data  is  available. 

Cedar  Hill  Lake  No.  1  Dam  has  a  watershed  of 
approximately  314  acres.  Land  gradients  in  the  watershed 
average  roughly  17  percent.  The  lake  lies  on  an  unnamed 
tributary  of  the  Big  River. 

Elevations  within  the  watershed  range  from  approxi¬ 
mately  500  feet  above  MSL  at  the  damsite  to  over  745  feet 
above  MSL  in  the  upper  portion  of  the  watershed. 

The  watershed  is  approximately  90  percent  covered 
with  forest,  with  the  remainder  being  covered  by  grass  and 
brush.  A  drainage  map  showing  the  watershed  area  is  included 
in  Appendix  B. 

Evaluation  of  the  hydraulic  and  hydrologic  features 
of  Cedar  Hill  Lake  No.  1  Dam  was  based  on  criteria  set  forth 
in  the  Corps  of  Engineers'  Recommended  Guidelines  for  Safety 
Inspection  of  Dams ,  and  additional  guidance  provided  by  the 
St.  Louis  District  of  the  Corps  of  Engineers.  The  Probable 
Maximum  Flood  (PMF)  was  calculated  from  the  Probable  Maximum 
Preciptation  (PMP)  using  the  methods  outlined  in  the  U.S.  Wea¬ 
ther  Bureau  Publication,  Hydrometerological  Report  No.  33. 
The  probable  maximum  storm  duration  was  set  at  24  hours,  and 
storm  rainfall  distribution  was  based  on  criteria  given  in 
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EM  1110-2-1411  (Standard  Project  Storm).  The  SCS  triangular 
hydrograph,  transformed  to  a  curvilinear  hydrograph,  was 
adopted  for  developing  the  unit  hydrograph.  The  derived  unit 
hydrograph  is  presented  in  Appendix  B. 

Initial  and  infiltration  loss  rates  were  applied  to 
the  PMP  to  obtain  rainfall  excesses.  The  rainfall  excesses 
were  then  applied  to  the  unit  hydrograph  to  obtain  the 
PMF  hydrograph,  utilizing  the  Corps  of  Engineers  computer 
program  HEC-1  (Dam  Safety  Version),  which  was  prepared  speci¬ 
fically  for  dam  safety  analysis.  The  computed  peak  discharge 
of  the  PMF  and  one-half  of  the  PMF  are  6,670  cfs  and 
3,335  cfs,  respectively. 

Both  the  PMF  and  one-half  of  the  PMF  inflow  hydro¬ 
graphs  were  routed  through  the  reservoir  by  the  Modified  Puls 
Method,  also  utilizing  the  HEC-1  (Dam  Safety  Version)  computer 
program.  The  peak  outflow  discharges  for  the  PMF  and  one-half 
of  the  PMF  are  5,843  cfs  and  2,594  cfs,  respectively.  Both 
the  PMF  and  one-half  of  the  PMF,  when  routed  through  the 
reservoir,  resulted  in  overtopping  of  the  dam. 

The  stage-outflow  relation  for  the  spillways  were 
prepared  from  field  notes  and  sketches.  The  reservoir  stage- 
capacity  data  were  based  on  the  U.S.G.S.  quadrangle  topogra¬ 
phic  maps  in  combination  with  data  given  in  the  National  Dam 
Safety  Inventory  Table.  Reservoir  storage  capacity  included 
surcharge  levels  exceeding  the  top  of  the  dam,  and  the  spill¬ 
way  rating  curve  assumed  that  the  dam  remains  intact  during 
routing.  The  spillway  rating  curves  and  the  reservoir  capa¬ 
city  curve  are  also  presented  in  Appendix  B. 
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From  the  standpoint  of  dam  safety,  the  hydrologic 
design  of  a  dam  aims  at  avoiding  overtopping.  Overtopping  is 
especially  dangerous  for  an  earth  dam  because  the  dovmrush  of 
water  over  the  crest  will  erode  the  dam  face  and,  if  continued 
long  enough,  will  breach  the  dam  embankment  and  release  all 
the  stored  waters  suddenly  into  the  downstream  floodplain. 
The  safe  hydrologic  design  of  a  dam  calls  for  a  spillway 
discharge  capability  in  combination  with  an  embankment  crest 
height  that  can  handle  a  very  large  and  exceedingly  rare  flood 
without  overtopping. 

The  Corps  of  Engineers  designs  its  dams  to  safely 
pass  the  Probable  Maximum  Flood  that  is  estimated  could  be 
generated  from  the  upstream  watershed.  This  is  the  generally 
accepted  criterion  for  major  dams  throughout  the  world,  and  is 
the  standard  for  dam  safety  where  overtopping  would  pose  any 
threat  to  human  life. 

b.  Experience  Data 

No  records  of  reservoir  stage  or  spillway  discharge 
are  maintained  for  this  site.  However,  according  to  the  local 
residents,  the  maximum  reservoir  level  was  never  higher  than 
the  crest  of  the  embankment. 

c.  Visual  Observations 

The  rock  spillway  and  falls,  and  the  exit  channel 
are  well  defined  and  were  in  good  condition.  However,  the 
abundance  of  vegetation  in  the  spillway  area  would  adversely 
affect  the  hydraulic  efficiency  of  the  structure. 


There  are  no  drawdown  facilities  to  evacuate  the 

reservoir . 


d.  Overtopping  Potential 

As  indicated  in  Section  5.1-a.,  both  the  Probable 
Maximum  Flood  and  one-half  of  the  Probable  Maximum  Flood,  when 
routed  through  the  reservoir,  resulted  in  overtopping  of  the 
dam.  The  PMF  and  one-half  of  the  PMF  overtopped  the  dam  crest 
by  1.73  feet  and  0.79  feet,  respectively.  The  total  duration 
of  embankment  overflow  is  3.42  hours  during  the  PMF,  and 
0.67  hours  during  one-half  of  the  PMF.  The  spillway  of  the 
Cedar  Hill  Lake  No.  1  Dam  is  capable  of  passing  a  flood  equal 
to  approximately  28  percent  of  the  PMF  just  before  overtopping 
of  the  dam.  The  28  percent  PMF  has  a  frequency  occurrence 
less  than  a  100-year  frequency  flood.  Since  the  PMF  is  the 
minimum  Spillway  Design  Flood  (SDF)  for  Cedar  Hill  Lake  No.  1 
Dam,  according  to  the  Recommended  Guidelines  for  Safety 
Inspection  of  Dams  by  the  Corps,  the  spillway  capacity  of  the 
dam  is  considered  "Inadequate". 

The  effect  from  rupture  of  the  dam  could  extend 
approximately  two  miles  downstream  of  the  dam.  Within  this 
area  are  six  houses,  two  improved  road  crossings,  and  State 
Highway  30  crossing. 


-21- 


SECTION  6:  STRUCTURAL  STABILITY 


Evaluation  of  Structural  Stability 

a.  Visual  Observations 

The  seepage  occurring  on  the  downstream  embankment 
slope  Indicates  a  potential  hazard  to  the  structural  stability 
of  the  embankment.  The  location  and  extent  of  the  seepage 
area  demonstrates  a  condition  which  should  be  analyzed  in 
further  detail. 

The  sloughing  on  the  upstream  slope  of  the  embank¬ 
ment  has  not  progressed  to  a  serious  extent  at  this  time.  The 
condition  should  be  monitored,  but  no  remedial  measures  are 
felt  to  be  necessary  at  this  time.  Continual  sloughing  of  the 
embankment  materials  will  necessitate  remedial  measures  at 
some  future  date. 

The  heavy  vegetative  growth,  including  large  trees, 
on  the  downstream  embankment  slope  should  be  cleared  as  soon 
as  possible.  The  growth  prevents  proper  inspection  of  the 
embankment  in  addition  to  providing  a  hazard  to  the  embank¬ 
ment  . 


With  the  exception  of  an  abundance  of  vegetation  in 
the  spillway,  the  spillway  and  the  rock  at  the  exit  channel 
are  in  good  condition. 


b. 


Design  and  Construction  Data 


No  design  or  construction  data  relating  to  the 
structural  stability  of  the  dam  or  appurtenant  structures  were 
found . 

c.  Operating  Records 

No  operating  records  are  available  relating  to  the 
stability  of  the  dam  or  appurtenant  structures.  Water  levels 
have  not  been  recorded,  however,  the  reservoir  was  1.5  feet 
below  the  spillway  crest  on  the  day  of  inspection,  and  is 
assumed  to  close  to  full  at  all  times.  No  operating 

facilities  exist  at  the  damsite. 

d.  Post  Construction  Changes 

No  post  construction  changes  are  known  which  will 
affect  the  structural  stability  of  the  dam. 

e.  Seismic  Stability 

In  general,  projects  located  in  Seismic  Zones  0, 
1  and  2  can  be  assumed  to  present  no  hazard  from  earthquake, 
provided  the  static  stability  conditions  are  satisfactory  and 
conventional  safety  margins  exist.  Cedar  Hill  Lake  No.  1  Dam 
is  located  in  Seismic  Zone  1.  A  detailed  seismic  analysis  is 
not  felt  to  be  necessary  for  this  embankment. 


SECTION  7:  ASSESSMENT/REMEDIAL  MEASURES 


7.1  Dam  Assessment 


The  assessment  of  the  general  condition  of  the  dam  is 
based  upon  available  data  and  visual  inspections.  Detailed  inves¬ 
tigations,  testing,  and  detailed  computational  evaluations  are 
beyond  the  scope  of  a  Phase  I  investigation;  however,  the  investi¬ 
gation  is  intended  to  identify  any  need  for  such  studies. 

It  should  be  realized  that  the  reported  condition  of  the 
dam  is  based  on  observations  of  field  conditions  at  the  time  of 
inspection  along  with  data  available  to  the  inspection  team. 

It  is  also  important  to  note  that  the  condition  of  a  dam 
depends  on  numerous  and  constantly  changing  internal  and  external 
conditions,  and  is  evolutionary  in  nature.  It  would  be  incorrect 
to  assume  that  the  present  condition  of  the  dam  will  continue  to 
represent  the  condition  of  the  dam  at  some  point  in  the  future. 
Onl>  through  continued  care  and  inspection  can  there  be  any  chance 
that  an  unsafe  condition  could  be  detected. 

a.  Safety 

The  spillway  capacity  of  Cedar  Hill  Lake  No.  1  Dam 
was  found  to  be  inadequate.  The  spillway  is  capable  of 
passing  a  flood  equal  to  28  percent  of  the  PMF  without  over¬ 
topping. 
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The  seepage  occurring  on  Che  downstream  embankment 
slope  should  be  investigated  to  determine  its  effect  on  the 
stability  of  the  embankment.  Seepage  and  stability  analyses 
should  be  performed  on  this  section  in  particular. 

The  heavy  brush  and  tree  growth  on  the  embankment 
slope  pose  a  potential  hazard  to  the  dam.  The  extensive  tree 
growth  is  considered  unsatisfactory  in  terms  of  dam  safety  for 
several  reasons:  First,  trees  toppled  by  wind  expose  holes 
that  invite  rapid  erosion,  and  second,  decay  of  large  existing 
root  systems  could  form  channels  for  eventual  piping.  Rodent 
activity  also  should  be  eliminated  on  the  embankment. 

The  sloughing  of  embankment  materials  on  the 
upstream  slope  is  not  considered  to  be  a  serious  problem  at 
this  time.  However,  the  condition  should  be  watched  and 
repaired  at  some  future  date. 

The  vegetative  growth  in  the  spillway  channel  which 
inhibits  the  hydraulic  efficiency  of  the  structure  should  be 
cleared,  and  further  growth  prevented. 

b.  Adequacy  of  Information 

Information  concerning  the  dam  and  appurtenant 
structures  in  not  available.  It  is  recommended  that  the 
following  programs  be  initiated  to  help  alleviate  this  prob¬ 
lem  : 


1.  Periodic  inspection  of  the  dam  by  a  professional 
engineer . 


2.  Set  up  a  maintenance  schedule  and  log  all  visits  to 
the  dam  for  operation,  repairs  and  maintenance. 

3.  The  dam  should  be  surveyed  and  an  as-built  set  of 
plans  and  drawings  should  be  completed. 

4.  Perform  seepage  and  stability  analyses  comparable  to 
the  requirements  of  the  "Recommended  Guidelines  for 
Safety  Inspection  of  Dams". 

c.  Urgency 

The  remedial  measures  recommended  in  Paragraph  7.2 
should  be  accomplished  in  the  near  future. 

d.  Necessity  for  Phase  II  Inspection 

Based  on  results  of  the  Phase  I  inspection,  and  if 
the  remedial  measures  recommended  in  Paragraph  7.2  are  under¬ 
taken  as  soon  as  possible,  a  Phase  II  inspection  is  not  felt 
to  be  necessary. 

Remedial  Measures 

a.  Alternatives 

Alternatives  for  increasing  the  spillway  capacity 


1.  Widening  the  spillway  by  excavating  Into  the  right 
abutment . 

2.  Lowering  the  crest  elevation  of  the  spillway. 

3.  Raising  the  elevation  of  the  embankment. 

4.  Combination  of  the  above. 

b.  Seepage  and  stability  analyses  should  be  performed 
by  a  professional  engineer  experienced  in  the  design  and 
construction  of  dams.  This  study  should  concentrate  on  the 
area  exhibiting  seepage  on  the  downstream  slope. 

d.  Repair  the  erosion  and  sloughing  on  the  upstream 
embankment  slope  as  is  becomes  necessary. 

e .  0  &  M  Maintenance  Procedures 

The  owner  should  initiate  the  following  programs: 

1.  Periodic  inspection  of  the  dam  by  a  professional 
engineer. 

2.  Set  up  a  maintenance  schedule  and  log  all  visits  to 
the  dam  for  operation,  repairs  and  maintenance. 

3.  Clear  the  vegetative  growth  from  the  spillway 
channel.  Keep  the  fence  across  the  spillway  free  of 
debris . 


4.  The  dam  should  be  surveyed  and  an  as-built  set  of 
plans  and  drawings  should  be  completed. 
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shale  with  thin  foss i 1 i f erous  limestone  beds  and  dense  limestone, 
dolomite  with  interbedded  limestone,  shale,  and  black  limestone, 
massive,  cross-bedded  sandstone;  and  dolomite,  lithographic  lime¬ 
stone  with  interbedded  sandstone, 
silty  and  cherty  dolomite  with  oolitic  chert, 
sandstone,  chert,  and  Interbedded  dolomite, 
cherty  dolomite  with  a  basal  sandstone. 


Reference:  Ge olog i r  Map  of^  Missouri,  1961,  Division  of  Geological  Survey  and 
Water  Resources,  State  of  Missouri. 
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APPENDIX  A 

PHOTOGRAPHS  TAKEN  DURING  INSPECTION 


CEDAR  HILL  LAKE  DAM  NO.  ] 


Photo  1 

Photo  2 

Photo  3 

Photo  4 

Photo  5 

Photo  6 

Photo  7 

Photo  8 


-  View  of  upstream  slope  of  embankment  taken  from  left  abut¬ 
ment.  Spillway  is  located  at  far  right  side  of  dam. 


-  View  of  typical  section  of  downstream  embankment  slope. 


-  Close-up  of  seepage  area  on  downstream  embankment  slope 
at  right  side  of  dam. 


-  Close-up  of  moisture  indicating  seepage  near  location  of 
Photo  3. 


-  Picture  of  approach  channel  for  spillway  at  right  abut¬ 
ment  of  dam. 


-  Picture  of  spillway  channel  with  concrete  weir  and  fence 
taken  from  downstream  looking  upstream. 

-  Picture  of  spillway  channel  taken  from  road  looking  up¬ 
stream. 

-  Picture  of  spillway  discharge  channel  bedrock  taken  just 
downstream  of  road. 


Photo  3  -  Close-up  of  seepage  area  on  downstream  embankment 

slope  at  right  side  of  dam. 


Photo  A  -  Clo«;e~up  of  moi  store  indiontinj’  seepage  near  a  oca 
Lion  of  Photo  i. 


—  Pi  i-  tmv  of  si>i  1  iw.iy  L'h.umi‘1  with  tnivivli'  Wi  ■  i  r  aiu 
j*  i  • :  k:<  *  inkon  f  I'osa  downstream  looking  upstream. 
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APPENDIX  B 

HYDROLOGIC  COMPUTATIONS 


ENGINEERING  CONSULTANTS,  INC. 

sjrrry  iw perr/ft*  -  A>hs<>_ct so  .  sheet  no.  /  OF^ 

CfPtft  H  )UL-  LfiKe  Njjr*®£K  i.  .  job 

RESFR  satfr  ^ea  Cfirficiry  VAr*  By  MS  D*TE//-^^ 

'  ’  ’  L/*-'- 

Ol/?/’  H!lL  'Lrt.Kf?,  MM&eX'L  Q>4^ 

&M££&>£  6ARA  t'R/'steSry  RAr/L. 


Fig  /■ 

(rr. ) 

P - 

5t/RrflC£ 

AREA 

fACftJS) 

IAJc  A  £  fnfAJTM 

/0L  U  Ml 

'AC-  Er) 

TcrAi- 

SAC-Er) 

- , 

REMARKS 

V9^ 

o 

o 

5"2£ 

0.6* 

Go 

Bt> 

^  ? 

/3* 

7* 

/SC 

AfSC/rt  FJ)  ShilwAy 
CREsr  ElRlS' 

SZo 

u 

n 

2*9 

MCA  /»M*sm£> ... 

O,  i  <f.F-  AAAP 

S3o.$ 

/i.i* 

e 

2t>8 

j~s> p  a*  Dae) 

S'  VO 

2(, 

z*  / 

7*1 

AREA  EtSASUW 
a.  S  6  S.  A>AP 

S  5  o 

37 

3  IS 

73  7 

/IAEA  Alt  A  SUM  ft 
o>a/  </  S  4  *.  A?/1A 

"  f,  ■  •  t  i  o*lA 


ENGINEERING  CONSULTANTS,  I3STO 


. .. C/U 

C;  luE.  V1'-  v. 

^r-'.uuviA-J  c  ;l 


-  V  .  J  44  C  5-  OUKI 

UAK£.  A  rDAM 


4  A-  "Eac-C.  yvf'v 


SHEET  NO. _ 1  OF. 

JOB  NO.  *\  ~  O 

by  _ DATE.  \ 


"OP 


,-o  <r» 
O  GO 


<T»  — 

CO  h  cd  C  <4 

OD 

. —  pTi  QO  rFV 


I  H  Ol 

^  <  T  o  co 

^  ^  2  »)  rj  N 

°  2vA  £>  '-0 


a  o°5? 

p  3.<sw. 

_ _ _ 1  rTuA  g 

Q  O  O  O 

R  H  rl  ol 

vD  ^  ’  vP  \9 

o  a^TkT 

r-  vi  Y  vj) 

<1  ri^d 
^  w 

in  nt  (°  'T 

6  —  ri  rn 

N  rrt  03  d  W7  K 

d  o  <»  *v 

O'  o  'T  A-  R  A' 

rl  c<i  <n  cO  cO 

ID  U>  LA  in  ifl  ui 


^  rO  <n  oi  o  <t<? 

o  <p 
—  CO 


mfiffias 


-  1 

h— - 

' 

—mama 

IHBUSHBBHHBBBSfi 


bbbbbBS 

tam 


CEDAR  HILL  LAKE  #  I  DAM 
SPILLWAY  a  OVERTOP  RATING  CURVF 


1,000  10,000  11,000  12,000  13,000  14,000 


ENGINEERING  CONSULTANTS,  I  KTO. 


SHEET  NO.  /  OF  3 _ 

job  no.  -  eoi  -,L. 

BY  TfLQ  _  DATE.  // 


S/irery  t*j  s  pftxr/oft  -  ahsj 40 ti 
c  fA/id  yj/j  //uM0£K  X.  ,~P*n 
(JfiJiT  VyOfl  O  4  ft flP  H  P/1  ft  A  rtft  r£R  s 


/  frftfi/rO/KZf  ftP/A  -  oVV  sic  =-  O'1/*/  sq,  ai,  . 

J.  L  P/0& T  ft  ft>P  Sr/?£/1W  L  =  P/.  7  "  Jr  z.ovt>' /s  o%t>  )  *  o.4«/A*i 

3  Dif=r  ekgivcs;-  fty  /e/.jZ'VP*1  < O^j  AH 
a  ft  -  7iS  -  S'  “  2-?<? 

Jj.  J /Ai  /  Oft  fto>A/<:  /aJ  r ft  ft  T/  ft/O  j  7cu 

An/J 

v  r  (  / 

r  fry  *  O'/v)*3™ 

V  \  / 


£  =  <9./?  w. 


-S'  7~/ai£  j  t-t  ~  0<  .6  *  T~e. 

lt  -  O.  6  x  0,/j  -  //  ^X\ 

ft/>//u  ftfttf  c/aj/7  Daft  AT  'ca)  >  ; 


^  V  r 


0  ~  Y 


O,  o  3  ft  A 


cfsft  D  -  5/W //U  -  0.003  /VX 

Mi*j>  a)  ft  ft  DtxRAr/c/v  ft ft>  r*r £>A 


7 *  f~/  AI  £  /  <  ft  ft  ft 


T/>  -  ^  f  £>.6  ft  >* 


>  //° 


<S 

■  j,  •  y-  €>.£*  &,/•/ 


o, /X  Aft 

ft  6- 
■Tft 


hSftft 
ft> ./ 4, 


m  $2 


ENGINEERING  CONSULTANTS,  I2STC. 


jjA/fi  £  T  y  T  Aj  r  f^trT/n  A  -  A/’sjouAj 

coDfiA  A  A/  r'uMfcEfi  1  9AM 

QA't'T  A'//) RO  <5 £///>A  J>£*iMrS0A.' 


sheet  NO.  ^  OF  .3  . 

JOB  NO.  7023  -&£>  ,~7 

BY  DATE  7/-  74  At: 


V 


<:  c*R  7/  /  >Asf/)R 


cJaJ/T  Ay  t>  A  #/>£>/ 


77  s*)  £ 

r/rp 

pJSOhAKOt. 

A  A  r/o 

?r 

oaj,  r  tfyMoofjBy 

T'/n£  T 

7777  ) 

pise/tAtG£ 

Ccrs) 

O,  e~r  o 

0,  o&O 

£7 ,  o  o  o 

0,  0OO 

0-7 

O ,  o>  5 

0.  03. 

22.23 

0,2 

A,  o75 

O  ,o3 

///  -  /5 

O.  3 

O  .  /4> 

0  ,0£ 

J37.U 

<9-  V 

&.2V> 

O  ,ot 

m.  k 

<£>  r 

47,  WS 

0,00 

444. 5o 

0.6 

0,4  * 

O  JO 

09$.  20 

0.7 

0,7? 

o .  7/ 

A ‘/I'll 

O.  ? 

<0.0$ 

o./3 

/3/e-Jii 

o.  > 

0A7 

£>./$ 

793.7.  S'/ 

7/  e? 

/,  ro 

o,/4 

/ 93  2,  oo 

>•! 

0,96 

Ai/t 

7y.S2.3C, 

/■? 

0,72 

0,1$ 

9363  ,ff 

13 

o>,w 

0,2/ 

72  99 

>■  i 

0-75 

O.Z2L 

7///.  So 

/■s 

0,44 

0,2$ 

$79, 7 1 

/A 

0,34 

0.24 

.  027.92 

/.£ 

O.  92 

O.  2*) 

421 .9$ 

2.0 

<3,32 

0.22 

$79A9 

3 A 

0,2  7 

O.  35 

3SS.66 

7  A 

<3,  SB 

0.3$ 

246.74 

2  A 

OA3 

o,Y2 

J72.6C 

2. « 

O >  £>53 

77. 9  S 

/'/  5A7 

3.0 

0.075 

r.iB 

)H.  /S 

3.5 

o.  024 

0.56 

53.35 

y.o 

O  ,£»& 

0.6‘, 

3£A9 

4,5 

O  .  00$ 

£>.  72 

73.  3$ 

5,0 

o  coy 

— 

o.  Sc 

S.73 

SdD  '39yVHDSIQ 


CEDAR  HILL  LAKE  #  I  DAM 
5  MINUTE  UNIT  HYDR06RAPH 


,0-4  EJUSTCrl  NEERING  CONSULTANTS,  INC. 

•i'/'CV  tb  A'S  V-  i  V-4—  VVT"  TA ’•  -  'fSViV.l .  SHEET  NO.  ..  I  OF 

. _  job  no.  y^pjA-oo-L 

—  JP.^g^LtC^  ^ . . BY  DATE _ 

.  •  ■  ■  t  •  ■  •  ,  1  ■  I  '  I  '  :  /!  ,  /T* 


~X>i=.Tfc.ifrj<i n A A'v  or  ,p  t*T  S 

i'^e.^-ITr'VnC,  r^-C  QA'rvOUg  e-  O'YC^V'  fT^  ‘VWC-  '^XSX&iYV. 

TL  •  A .  —  3  \  A-  ve 3  =  <j ‘  4-3  ■^'<^) *  VvvJL 

4.  l)eie;iYm'nC  5-- TAP  r^rwc\<cy.  "Y^-w-C^U  •. 

V-O  CoA  vC^A  <3-£  C^nrA  <CVvA.  «VVYV! 

U^\<*J  .  W*A.‘.  3S‘2>3 

^.PMp  -fcrr  OLOO  .  VVU- .  £<T  24-  •&*•£>  <WrotWi 

=.2s47/(_  frtrm  Piij  HAR  Vi&3>3^ 

3. 3tlurrr\Vn.O  -^o^-ivvv  ~rciyr\{o\ l  \'rA/cirmS  <sr£  jaensc^oy^' 

:  djC  JpMp  cinr<A^  *t  olvx^aM  —jo-C  varrysAi’  dlv/ree^A^-Fii.  <’ 

vJ  f  j 

e>  p 

loO,^n;;  k  3£'2>3  .'..... 

;  s^*  7 


X)uto3i  on 

j-trr  ce.-^!t 
3v\A*.;< 

ToAu-l 

-Ti>\vkAo*.H 

P25Urr>-f<*A\_ 

-u^eftYwtvA^ 

T)  u<ro^v»A 
nvfrc,- 
>T'«.<Y\-V 

CvWi-3 

CO 

(TyvW*,} 

CWxcVO 

O*~0 

O 

!  00 

0-S'^ 

25't 

£> 

J2- 

i’iO 

30-7 

5M 

0  4- 

130 

33*3 

\7^ 

■2-5'G  ce‘c>£R  h\i_u 

cr$-  V\ 


ENGINEERING  CONSULTANTS,  INC. 


JJ/tA!  '/  2. P’S  fj  >'7  //'V  •  /» /  iSoofil  j 

SHEET  NO.  /  OF  / 

FfORR  7//LD  /.*  K6  MbMVfrA  J.  job  no.  /?W'4p/-/ 

/<?£?  //'  E/cooD  £/  K£  Gfiess/w  F<2l/AT/c>aJ  bw  Fl  Q  date  //-?*>-? t 


C/J)/M  77/ //  ■*  /_ Dri/Vl 

700  -Vf/lf,  FLOOD  fly  tf£(ZAL$S'  Oa)  FGUAT/Oa) 


RL6RBSS )CA7  E4i*AT>0a}  foR  700  yf/)R  Flood  FoF 


F1/5S  <Du  A  /  : 


-  O.cZ 


<?/«.-=■  GS.t  4 


0.  ?3‘J  /} 


0.  SFF 


t4//Li  f.C 

A-  DRAiojaf-C  /)AC /i  //V  S<$,  /*/. 

S  =  /t?/f/A7  FsM/va/FL  Slope  Ft./ ah 

/Al/6  UoPf  8£TWFFa>  £).!£  sjMO  <p.8£i} 
7,  d  £  >0  G  LF*)6rt/  Of  s  FPfPrv)  y 

for  cedar  a/ 1  */  o/un  ; 

r  -  O.  '/?  sa.rf; 


70  0  —  E3  0 
0.7 50r  o.6*i 


JZ.O 

o.  ve>  3  E  LUtfft/ mi, 


~o.cz 

O.'fi1!  7  0777  )  O .  S76 

Q,co  85./  fo-fl)  3c</,/7 


-  72?3  CF3 


I 

k 


HEC1DB  INPUT  DATA 


Wt.WWl' 


T*  i»r/r 


